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Abstract — The top notch technology in power electronics 
made the modern wind energy conversion system (WECS) 
integrated to utility grid has become reliable and efficient. This 
paper investigates the grid integration of a multi-phase 
permanent magnet synchronous generator (PMSG) connected 
to variable speed wind turbine (VSWT). 

The proposed system model consists of two back-to-back 
connected to converters with a common dc-link. The generator 
side converter is designed to achieve maximum power point 
tracking (MPPT). The grid side converter regulates the dc-link 
voltage, which is actively controlled to feed power generated, 
thus enabling the grid to supply only sinusoidal current at unity 
power factor (UPF). 

A model of directly driven five-phase PMSG- based variable 
speed WECS is developed and simulated in 
MATLAB/SIMULINK environment. The quality performance 
of the proposed control technique is investigated and validated 
through extensive simulation results 

Index Terms — Five-Phase PMSG, WECS, back-to-back 
converter, variable speed wind turbine (VSWT), MPPT 

I. INTRODUCTION 

The rapid development of wind energy technology has 
significantly raised the penetration level of wind power in 
utility grids and consequently the wind turbines -grid 
integration. 

The amount of energy extracted from wind depends not only 
on the incident wind speed, but also on the control strategy 
applied on the wind energy conversion system (WECS). 
Typically, maximum wind power extraction is accomplished 
by using fully controlled variable speed wind turbine 
generators. The rotational speed of wind turbine hub is 
adjusted according to the incident wind speed to track the 
maximum wind power trajectory [1]. As a power generating 
unit connected to the electrical grid, the wind turbine 
generator should have the capability to control both the active 
and reactive powers injected to it. 

Variable speed wind turbine (VSWT) topologies include 
many different generator-converter configurations, based on 
cost, efficiency, annual energy capturing, and control strategy 
of the overall system [2]. Permanent magnet synchronous 
generator (PMSG) coupled to variable speed wind turbines 
are considered appropriate, fitting and feasible technology in 
wind generation industry since PMSGs are self excited, 
operable at high power factor and has high efficiency [3]-[5]. 
Furthermore, due to its low rotational speed the gearbox can 
be omitted. 
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In other WECSs, the gearbox is one of the most critical and 
panic wind turbine components, since its failure is highly 
expected, and it requires careful and regular maintenance [6]. 

There are two popular power electronic configurations 
employed for interfacing PMSG with utility grid, first PMSG 
system with passive diode rectifier followed by IGBT 
inverter, and the second configuration is PMSG system with 
two fully controlled full-size IGBT PWM converters [3], [5]. 

In this context of higher-power wind turbines and full power 
topologies, the use of multi-phase generators shows a 
promissing prospect for industrial applications because the 
power is inherently split and the additional phases allow some 
extra benefits and solutions [6]. For example, Spanish 
manufacturer Gamesa has developed a full-power 4.5 MW 
wind turbine with 6 parallel converters and 18 phases [7]. 
Some other topologies that use series connected 
generator-side converters have also been proposed to achieve 
medium voltage on the grid-side [8]-[9]. 

This paper studies the performance of grid connected direct 
driven five-phase PMSG based wind turbines. The PMSG is 
connected to the electrical grid at the point of common 
coupling (PCC) via an AC-DC-AC back-to-back converter 
set. Two control schemes are developed for machine- and 
grid-side converters. A shunt capacitor is employed as a 
DC-link between the two converters. Pulse width modulation 
(PWM) is used to produce the switching signals for converter 
switches. The dynamics of the system and control action is 
simulated with detailed model using 
MATLAB/SIMULINK. 

II. Wind energy conversion system 

Wind energy conversion system (WECS) converts kinetic 
energy of wind to mechanical energy by means of wind 
turbine rotor blades; then the generator converts the 
mechanical power to electrical power. 



The output el trig. 1 Five-Phase PMSG based wind turbineX through 
power electronic converters. The WECS under scope of 
reseach consists of a gearless wind turbine coupled to PMSG 
generator with a generator side converter linked through a 
DC-link to electrical grid side converter as shown in Fig.l. 


98 


www.erpublication.org 



















A Novel Technique for Wind Energy-Grid Integration Based on Five-Phase PMSG 


III. WIND TURBINE MODEL 

The power of the wind captured by wind turbine depends 
mainly on its power coefficient (C p ) which is given by the 
relation: 


C P = 


^V. r LTC i 


(1) 


armature inductance , represents the (d,q) axis 

inductance, p (p is number of pole pairs, 

represent the turbine rotor angular speed and X is the 
permanent flux linkage). 

The electrical torque of the generator can be expressed as: 


— lt2*l! ~ -j 4 Kv ^p (a! 

Where p is the air density, V lv is the wind speed and R is the 
radius of circular area swept by rotor blades. But, for a given 
turbine C 0 is not always constant. The most common 
parameters for C p are function of the tip speed ratio X and the 
pitch angle p. Where, the tip speed ratio is given as: 


A = 


T(p 5p 99 d R ati a co r , R 

IVcnc Sp99d 14 


( 3 ) 


The mechanical equation of PMSG is given by: 


T m - ^ + % + /' 


dt 


(S3 


(9) 


Where B is the friction coefficient, J the total moment of 
inertia and T m is the mechanical torque produced by wind 
turbine, T s is electromagnetic torque of PMSG. 


Here the power coefficient C p = f(X, p) is a function of both 
parameters. Consequently, different wind speeds will require 
the optimal values of tip speed and pitch angle to achieve a 
high C p and therefore giving the highest power output at all 
available wind speeds [10]. The above-mentioned aspects 
make it very clear that to extract maximum power out of the 
varying wind we need to have a wind turbine that allows the 
change in rotor speed to reach optimal aerodynamic 
conditions. As every optimal C p?optima i has one optimal value of 
tip speed ratio ^optimal* it is necessary to control the tip speed 
ratio according to the wind speed. This task of MPPT is 
achieved by using power co-efficient against tip speed ratio 
for different pitch angles of the turbine. The active pitch 
control is used during high wind velocity to shed off the 
aerodynamic power by turning the rotor blades through some 
angle from the direction of striking wind (also known as pitch 
angle control). The aerodynamic power captured by wind 
turbine is the cosine function of pitch angle. In this paper, the 
pitch angle is kept zero, which is a valid assumption for lower 
to medium wind velocities. 

IV. PMSG MODEL 

The voltage equations of five-phase permanent magnet 
synchronous generator expressed in the rotor reference frame 
using an extended park transformation (di,qi and d 2 ,q 2 ) axis. 


di dl 

Ksi. — T ^ — 

(43 

di„ L 

(53 

Q C-.- 3-7 

V dx = R,ito + L 

□■t 

(63 

d E £2 

=*.<* + 1 

(73 

Where V^ 2 and , V^ 2 represent the stator voltages in 

the (d,q) axis, and i q2 represent the currents in the 

(d,q) axis, R s represent stator resistance , 

L represent 


V. GENERATOR SIDE CONTROLLER 

The generator side converter is mainly used to control the 
wind turbine speed in order to extract maximum power from 
wind turbine The turbine should operate at in 

order to get P max , so it is necessary to keep the generator rotor 
speed at an optimum value of tip speed ratio Actinia] • The 
PMSG rotor speed should be adjusted to follow the change of 
speed and consequently adjust the turbine speed with wind 
variations [11],[12]. The PMSG speed control can be 
implemented through generator side converter. That allows 
the generator to rotate freely depending on wind variation. 

To realize the control concept we should investigate the 
equation of motion [5]. So, The generator equation of motion 
is given from equation (9) as: 

J^=T ra -T,-Bu e (103 

The mechanical rotational speed of PMSG rotor is given by: 

“m=— = w t G r ( n 3 

Where, electrical rotational speed of PMSG rotor (rad/s) 
co t turbine rotational speed and G r gear ratio (if existed). For 
gearless PMSG based wind turbine G r = 1 and according to 
the characteristic of wind turbine at any value of wind speed 
the rotational speed of the turbine rotor is regulated to the 

value through generator side control hence: 

_ -^-optimal *wi nd ^ ^ 

— optima] ~ ~ 

So that Cp takes maximum value. 

From eq. (10), the speed control of generator can be achieved 
by the control of electromagnetic torque T e . From eq. (8) the 
electromagnetic torque may be controlled directly by q-axis 
current component!^, therefore the speed can be controlled 
by changing qi axis current. 

It's clear that from equation (IqO reference current component 
(torque controlling current component) can be derived using 
eq. (8) 
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l ql ~ 


2 
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(133 


(d^ d : and q z )-axis currents component and ll q2 is set 


to zero to minimize the current and resistive losses for a given 
torque. The generator side control diagram is shown in fig.(2) 


Generator 

Side 

Converter 



^ = L-^-aLi^ + v 4 
□T - 

&■- — i "Tj7 T ^ id T Vq 


(16) 


Now, the main goal of proposed controller is to generate the 
reference currents such that the grid always supplies only 
fundamental active power to the load at PCC. For UPF 
operation, the quadrature-axis reference current c'“- . The 
active power exchange between WECS and grid is directly 
proportional to the direct-axis current id and can be derived 
as: 


This direct-axis current id is also responsible for regulating 
the dc-link voltage. Therefore the d-axis reference current i^ 
is generated from the PI controller for the dc-link voltage 
regulator expressed as: 

(18) 


Where Kpv dr is proportional gain and is the internal 

gain of the dc-voltage regulator. 


Fig. (2) Generator Side Converter 


VI. Grid-side converter control 


The grid side converter control scheme contains two cascaded 
loops. The inner loop controls the grid currents and the outer 
loop controls the DC-link voltage and the reactive power. 
Harmonic compensation can be added to this controller to 
improve the power quality of the system. The outer loop 
regulates the power flow of the system by controlling the 
active and reactive power delivered to the electrical utility 
grid. 

Let the three-phase grid-side voltages as follows. 


9 : ~ — Ecosiwt) 



(14) 


Generally, the standard PI controllers perform satisfactorily 
in forcing the grid current to track the reference current 
exactly. However, the presence of coupling terms in (16) 
deteriorates the performance of the PI regulator. To avoid this 
problem, the system can be decoupled in the form of a 
first-order linear dynamic system having better 
controllability, as follows: 


0 = £ f 1 

0 = L — -Av q f 

dt q J 


(19) 


Where, the output signals, Avd and Av.~ are derived from 
inner current controllers loops as: 


Av d = K p Ul - i d ) 4- A"; Jpl - hi}dt 


( 20 ) 


Where E is the maximum phase voltage and co is the angular 
frequency of the grid-side supply. 

The voltage equations in abc frame are: 


g b 


- r Ik i v 

- “ dt + c 

di r 


> 


(15) 


Where e a .. %, are grid-side voltages , v a ,v b ,v c are the 
inverter terminal voltages and L is the coupling inductance. 

On converting the voltage (15) into synchronous d-q 
reference frame, we have 


Inclusion of these decoupled terms in (16), results in the 
reference d-q voltages of the inverter as follows: 


Vd - 9 d -I- OjL l'jj - Av d 

- wiEj - A Vr 

The reference d-q voltages obtained from (21) are 
transformed into a-b-c reference voltages with the help of grid 
voltage phase angle 0. The grid synchronizing phase angle 
can be extracted using the phase lock loop technique. The 
reference voltages are then applied to the PWM controller to 
generate control signals for the grid-side inverter. The 
complete control diagram of the grid-side inverter is shown in 
Fig. 3. 
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Grid 

Side 

Inverter 



Fig. (3) Grid-side Converter Control 
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VII. Simulation results and discussion 

The parameters of the system under study are given in Table 
1. MATLAB/SIMULINK software is used to perform the 
simulation using power system block sets with a simulation 
time of 1.5 seconds. 


(d) lip Speed Patio d . 




(e) Torque cf PPEG 


Table (1) System Parameters 


PMSG parameters 

R s = Q.425.Q 

L s = 0.00035/7 

A = Q.433u-£i 

/ = 0.01197 

p = 0.001189 


Wind turbine parameters 

Krind = 12m/s 
Rated wind speed 

R=1.8m 

o 

II 

^optimal = 

p = 1.225-fc^/m 3 


Grid parameters 

V = 3S0v 

R = O.OlSil 

L = 2 m h 

DC link voltage = 620v 


The proposed control strategy for PMSG-based variable 
speed WECS is simulated using MATLAB/Simulink under 
different operating conditions. When the wind speed profile is 
considered varying smoothly with different values, as seen in 
Fig. 4(a) and according to wind turbine characteristic; when 
wind speed varies the controller adjust PMSG rotor speed to 

follow the same value of as shown in Fig. 4(b). 

Fig. 4(b) shows that the PMSG speed varies according to the 
reference speed with a slight error. The tip speed ratio and 
power coefficient of wind turbine variations are given in 
Fig.4(c) and 4(d) respectively. It is obvious from these Fig. 
4(c) and 4(d) that X and C turbine are almost constant for the 
simulating period except for the jump start at 0 s. The 
mechanical and electromagnetic torque of PMSG is varying 
with different values -40,-60 and -80 N.m for the same change 
in wind speed with values 8,10 and 12m/sec respectively as 
seen in Fig.4(e). Mechanical and electrical power change, 
during change in wind speed as shown in Fig.4 (f). On the 
other hand, generator terminal current change simultaneously 
with change in wind speed as shown in Fig.4 (g,h,i and j). 



(j£) P&cfr&nic&Mnd eieciric&i pewer 





if) Generator current 



0 Generator current at 12m/s 

Fig(4) S imitation result 5 of WECS Tinder generator side converter. 

The grid side converter is actively controlled to inject the 
generated power and regulate DC-link voltage. Simulation 
results in Fig.5 show grid voltage and current in-phase, 
DC-link voltage compared with reference value, direct-axis 
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current, quadrature-axis current, active and reactive power 
injected into grid. 



T"tb [mcT 


(n) Grid Voltage and cmrent 



tty Grid Voltage and cmrent at Sm/s 



Grid voltage and current in-phase at different values 
of wind speed as shown in Fig.5 (a,b,c,d). Fig.5 (e) show 
DC-link voltage as the same value of reference value, the 
direct-axis current change with change in wind speed but 
quadrature-axis current is zero as seen in Fig.5(f). Fig.5 (g) 
show the active power change with wind speed and reactive 
power is zero. 

VIII. CONCLUSION 

Direct driven PMSG wind turbine modeling and 
simulation have been investigated. Two control schemes at 
both generator side and grid side converters are presented. 
Results show that turbine tip speed ratio and power 
coefficient can be controlled to a constant value for different 
wind speed profiles. 

Generator side converter can be implemented to 
achieve such control. Active and reactive powers produced to 
the utility grid can also be controlled to meet the utility grid 
code through grid side converter. DC-link voltage is 
controlled to ensure the transmission of power from generator 
to the electrical grid within the designated value. These 
control schemes can also be used to achieve a unity power 
factor (i.e. Q = 0) delivered to electrical grid and 
consequently not alter the overall power factor of the system. 


(c) Grid voltage and cmrent at 1 Om/s 
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(e) DC-link voltage 
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(f) d-q axis current 
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Fig.5 Simulation results of WECS at grid side eon verier. 
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